cae. WN 


Clima Heating Services Ltd 


company / Installe! 


Engineer 
Company Clima Heating Services Ltd 
Address 14 
Flockton Crescent 
Sheffield 
South Yorkshire 
PostCode 513 9QR 
Tel No. 
Gas Safe Reg 
1D Card No. 
tees ae 
1 Plant Room Boiler 
2 Plant Room Boiler 
3 Plant Room Boiler 
r 
5 
6 


lefects / Identified 


aueuwune 


Non Domestic Gas Safety Record 


Cert. No. |164 


Safety Inspection and reporting carried out in accordance with the Gas Safety (Installation and Use) Regulations and the Gas Industry Unsafe 
Situations Procedure No detailed internal inspection of flues (integrity, construction and lining) has been carried out. 


job Address} 


‘ustomer / LandLord 


Name UoS Accommodation Village Name 
Address Froggatt DF Company Engie 
Endcliffe Avenue Address 14 
Sheffield Endcliffe Avenue 
South Yorkshire Sheffield 
PostCode S10 3EA South Yorkshire 
Tel. No PostCode 510 3EA 
Tel. No 01142 224948 
Make Mosel Fie Tipe [Lads Aston rapeces| Operating Preis | Hetned GW) | igh Gmbaion | Law Canton Sulty devel) Venison [Val cnion! Five | Aalnce [Alen sl 
soptance ‘bar aa aE shoes | ers, | cea, | eas | Totem] veel | ree 
Oe salstoctory 
Broag Remeha Quinta Pro 115 FF Yes Yes 171 1182 0.0008 78. aa (0.0001 12/91) Yes Yes Yes Pass | _Yes Yes 
Broag Remeha Quinta Pro 115 FF Yes. Yes 17.2 117.6 0.0008 779.10.0001/11 9.1, Yes Yes Yes Pass | Yes Yes 
Broag Remeha Quinta Pro 115 FF Yes Yes 17.4 118.2 0.0007 64 9.10.0001 10 9.1 Yes Yes Yes Pass Yes Yes 


Labels and Warning Notice Issued 
No 
No 
No 


Emergency Control Accessible Yes Gas Tightness Satisfactory Yes 
Gas Installation Pipework Visual inspection Satisfactory No 
Equipotential Bonding Yes 


NEXT INSPECTION DUE ON OR 
BEFORE 


04-Jun-2022 


Tested operation and let by of gas solenoid valve, all okay 0.0mb let by. Gas Pipe Work Defects: Screwed joints >2” diameter. Undersized to appliances. 


Issued by: Signed 


Print Name 


Received Signed 
by: 


Print Name 


Date 04-Jun-2021 


